CXSriNG &M.DBJG GROUND BUS 


-DOSING FEDERAL PACSTC, 1SOOA ALUM 
PAIRED PHASE BUSWAY TO REMAIN 


ROUTE BELOW 
EXIST WSBNG 
TROUGH 

(2) 90T OFFSETS (DOWN 
IH ELEVATION) 


PE §6 


4" CDTS. 4-500KCMJ1. 
1-4/0 KCMU. CND. WIRE. 


CttfDUffS TURNING 
OP (TYP) 


P£ J? 


CONDUITS TtftHUCG 
SEE SECTION *8-8' 


P£ #8 



NOTES: 


M 


1 SEE DRAWING £» 1 TOR BUSWAY SCHEDULE 4t CENERAL NOTES 

2 TRANSFORMERS & SWITCHBOARDS Will 8f LIVE DURING INSTALLATION 


(S) 4" CONDUITS 
FOR LOWER FLOORS 
BUSWAY 

SPLICE BOX 
(TYPICAL) 

reroute existing 
conduits around 
busway cqndutts 


WtREWAY. EXTEND 
CIRCUITRY AS REO't 


(5) 4' CONDUITS 
FOR UPPER FLOORS 
3USWAY 



-150VA 
TRANSFORMER 


oasr 
RP75E 


EXISTING 
WlREWAi 


SECTION C-C 


SWEEP CONDUITS 
ABOVE EXISTING 
CONDUITS IN 
SUBSTATION ROOM 


RETURN AIR 
SHAFTWAY 


TRANSITION BOX 
(TYPICAL) 


(2) 90" OFFSETS (UP 
IN ELEVATION) 


PARTIAL PLAN 75th. FLOOR EAST 


20O0A. COPPER FELOEK 
BUSWAY, SEE GENERAL 
NOTE #6. DWG E-I 


(2) 90* OFFSETS (DOWN 
IN ELEVATION) 


I — I 


t 


t 


PE #9 


SECURE TO 
BUflOtNC 
STRUCTURAL 
BEAMS. SEE 
DETAIL DWG, 
fE-24 & 
ARCH DWGS 


w 1 r 


EXISTING HIGH VOLTAGE 
FCEOER 


2000A. COPPER FEEDER 
BUSWAY. SEE GENERAL 
NOTE #6, DWG E-1 

TRANSITION SOX 


TIE INTO EXISTING SWITCHBOARD 

Bus provide new eus 

AS REQUIRED 


SEE ARCH DWO'S 
FOR ACCESS PANEL 
DETAIL 


eXlSTTMt TRANSFORMER 
I500KVA. I3 8KV- 


EXISTING 430/2 7 A- 
SWITCHBOARD 


SECTION A-A 


1B6DX 


TRADE 


SHAFT 4 
ELEC Ct 


-SUBSTATION 
SS-75F 


SEE RiSER DRAWING E-22 It 
DWG E-25 FOP CONTINUATION 

UP TO CABLE SUPPORT 
BOX ON 79TH FIOOR 

5-4" CONDUITS. 4#500aCM1L < 
104/0 GND WIRE 

TO RESPECIlVt CABlL 
TOP BOX 


CABLE SUPPORT 
BOX. NEMA TYPE 4. 
36"XJfirxi6T0 WiTh 
COVERS Of J FROM' 
AND SACK 


S-4" CONDUITS. ■*#WK)r«-MH 4 
I #4/0 GND WIRE 


SECTION B-B 


SEE RISER OWG £ - 22 A 
DWG E~2J FOR CONTINUATION 


Shed 


3 8 * 



42*U 


EDWARDS and ZUCK, P.C. 

CONSULTING ENGINEERS 

SJO «bM Strocl Nn YoA. ft 10036 

312-736-3*00 
© 19S3 D»onh arm ZutxP C 



^ /ISO! DawttgsottUcKd 


No Date Revision 


Dm fn 


enter 


DW tioi 


■aim nt 


P ro gx sri i 


Title 

LOW VOLTAGE DISTRIBUTION 

TWO WTC 

ELECTRICAL 
75TH FLOC& 

EAST SIDE 

BUS & RISER CABLE LAYOUT 
(SUBSTATION SS-75E) 


SI*!*'*! 


^3 Vi?-fW" 


CW2-304041 E-21 


H-278-3 


